GAS SAFETY CERTIFICATE 


This form can be used as a Landlord’s gas safety certificate 


Engineer : 


| | Contract Number GOS Landlords Details If Different 
Gas Safe Car Customer Name Eraye Nam 
Engle Office:Address Site Address Howden Flows Address yemera i 
Skafidd Enter Company 
Postcode SiO 40 Postcode Registration 
Received By Signature Rented Accommodation Number 
Landlords Service Appliance Details | 
App| appliance | Inspection F F Flue Type 
Yes/No Repair | Location Type Model Serial Number Burner Manufacturer (OF/RS/FL) 
1 | “> Amkcom, Sup tireinieh | Sysiem loca Yorssman Govino BIWiG | Uerseman OIE 
z arbery of Waloiny . | Woes heodey Remwoey » Warr ic | MW EOS Heuchny Olé 
rq ~ vd 
3 Walks henley Poesia, sores 110. | M)\ Ouse HomeacMng one 
1 _—————— a - 
General Safety Checks Result [General Safety Checks Result Ventilation 
Gas booster/compressor operating correctly Flue termination satisfactory (Yes/No/NA) Low level free area cm or ventilation flow rate inlet mh Acual 2T4SQne Required (Calculates) 2G cme 
(Yes /No/NA) LS Ye a 
is thera a current gas installation line diagram at Has a tightness test been carned out from local " 2 5 a4 , 
vaitnary motor (Yee NOINA) “| Sep | Hasata ite bereerdh Gs High level free area cm? or ventilation flow rate extract mish Actual 1) Boao Required (Calculated) 1G4O Cy 
Is the meter installation correct (Yes/No) Yes Is gas pipework electrically bonded (Yes/No) wv & All ventilation grills clear and unobstructed (Yes/No) & s Fans and/or flue interlocks operating correctly (Yes/No/NA} WA 
Gas Installation pipework adequately supported Tyre adequate emergency Isolation valves fitted FF 5 + 5 
(Yes/No) ili (Yes/No) | Nos Details of any faults Remedial Action Taken Comments and calculations 
Gas Installation pipework sleeved and sealed as| ‘Are emergency valve handles in place and 
appropriate (Yes/No) “o> _| labeled (Yes/No) e > 
code a | 
7 pala sername py} De valves fall 0 the correct position (Yes/No) = ) 
phe Cmesl a Inaccordance with [% > ‘Avea clear of combustible materials (Yes/No) ES en pales 
; App tor | App 2or Jor saa Apps or | App 4or App2or | Appsor | App 4or 
Appliance Checks App 1 High| App 1 Low | App 2 High | App 2 a ‘App 2 High] App 2 Low pay 1 ign ey done 2 High | App 2 Low 
| Fue flow test satisfactory (Yes/No/NA) Gas burner pressure (mbar) or heat input KW/h Carbon Dioxide (CO,) (%) cel Q 
Mes > Me> required oO = BY 2 
Spillage test satisfactory (Yes/No/NA) Yo» Yo» Ye Pas Danae Riese {enbar} or heat input K/h es Excess Al (9) 50 ou 20 
As 
Air/Gas switch operating correctly (Yes/No/NA) “o> % > Ge > Gas rating measured (kW/h / NA) wa ce Ratio 0006 ao0d $ |.000 6 
. 4 - fe 
Fi i r ‘ ; - ; 
Reena devices operating correctly Yoo ws Up Air/gas ratio control setting (96/NA) No | Gross Efficiency |%) a7 le Ss ad 4 
‘Burner lock out time (seconds) 40 0 40 | falta ame Saipan NS CO tue dilution (oper) sak Ap nA. 
[evemateg penne: ee i aes ws, | Ses Oxygen (0; %) $.\ Standing pressure (mbar) 13 1% 2 
Heat net input rating data (kW) Goo | 1 \Okeo | \iSkes Carbon Monoxide (CO}(ppm) Si. Working pressure (mbar) ai 2 UN 2) i 
Worksheet No (it used) Declaration of gas safety - confirm that all of the above work described on this form has been satisfactonly |s appliance safe for use (Yes/No) | | Yos | ‘u> 1 
(ee) \G completed in accordance with the current Gas Safety (installation and use) regulations, standards and procedures. Has a warning advice notice been raised 
- = (No or Warning notice Ser No or No's) | AM 
Checked by (office use) Date pe.) i 3} 14 Test Instrument Aner VCO 
Entered on database | Test instrument serial number Uto fav) EIR YY 


( 


Distribution: White - Customer, Yellow - Service Centre, Pink - Site, @~-n - Engineer 


( Version No: 01 = 
Version Date: Feoruary 2015 


Security Classification: Unclassified 


